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Short 




iNG PROGRAM MANAGER 
TRADE 



PERSONAL OECON 
LOCATION 


G E N D 



8-1 LEVEL REMOVAL QUANTITY SCHEDULE 

PHASE NAME 

ACM QUANTITY 

POLICE STATION 

1850 SQUARE FEET OF FIREPROOF .NG 

POLICE STATION 

1850 SQUARE FEET OF SHEETROCK COUNG 


NOTES 

1. SPOT Fl REPROOFING ABATEMENT SHALL BE 
CONDUCTED AT LOCATIONS AS NOTED. 

2. SPOT ABATEMENT SHALL BE NECESSARY PRIOR 
TO CONSTRUCTION OF THE FULL CONTAINMENT 
ISOLATION BARRIERS. ISOLATION BARRIERS SHALL 

BE CONSTRUCTED OF 5/8" FIRE RATED PLYWOOD 
AND 16" ON CENTER 2"X4" STUDS. 

3. NEGATIVE AIR UNIT EXHAUST SHALL 8E 
CONNECTED IN SERIES AS DELINEATED WITHIN 
NYSDOL APPLICABLE VARIANCE (AV) NO. 109. 

4. THE CONTRACTOR SHALL ELEVATE FLEXIBLE EXHAUST 
DUCTS ABOVE EXISTING OVERHEAD PIPING. TO ENSURE 
UNOBSTRUCTED PASSAGE FOR VEHICULAR TRAFFIC 
UNDERNEATH. IN THE LOCATIONS SHOWN. THE 
CONTRACTOR SHALL UTILIZE AN EXISTING ABATED 
PATH FOR SUSPENDING THE FLEXIBLE DUCTS. 

5. SEE DIVISION 1 CONDITIONS AND PRECAUTIONS 

FOR INFORMATION REGARDING PERFORMANCE OF WORK 
ON THIS AREA. 


XX. 


A.FJ. 


WORK AREA LIMITS 

AS8CST06-C0NTAIM1NG FtftEPROOfUtC 

TO 8E REMOVED VU TENT ENCLOSURE 

FOR INSTALLATION OF ISOLATION 
BARKER. 

WATER SOURCE AND ORAM 
ELECTRICAL POWER SOURCE 

FIRE EXTlNGUtSHCft 

DECONTAMINATION 
UWT LOCATION 

ELECTRICAL PANEL 
ELECTRICAL PATH 

FULL CONTAINMENT ISOLATION 

FKEPROOflNG TO BE ABATED 
APPR. ELEV. 24" AJ.F. 

CONTAMMATCO SUSPENDED 
COUNG TO BE REMOVED 
APPR. ELEV. 12* KFS. 

ABOVE FHSKMG FLOG) 
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B1/B2 LEVELS 

FIREPR .vrlNG ABATEMENT 
AND REPLACEMENT 


ASBESTOS ABATEMENT PLAN 
B-l LEVEL 


TKs drawing subject to cond&ora in Cortfrort. At 
inventwns, kJeos, designs and methods hereA ore 
reserved to Port Authority ond may not be used 
without Ss written consenL 
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Dote 


WTC 881.073 


Scale 


V-5 
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